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FIRST  EDITION  OF  SUPPLEMENT  "R"  TO  THE  "CANADIAN 
ELECTRICAL  CODE",  PARI  I - EIGHTH  EDITION 


The  above  noted  Supplement  is  now  in  print  and 
available  for  distribution.  It  includes  editorial 
corrections  and  all  changes  approved  to  date  to  the 
Eighth  Edition  of  the  Code.  These  changes  have 
been  approved  by  the  Committee  on  the  C.E.  Code, 
Part  I,  the  Provincial  Chairmen's  Committee,  and 
the  C.S.A.  Technical  Council. 

A supply  of  the  Supplement  has  been  ordered 
and  copies  may  be  obtained  directly  from  any  of  the 
Provincial  District  Electrical  Inspection  Offices 
or,  alternatively,  they  may  be  ordered  by  mail  from 
the  Edmonton  Office  of  the  Provincial  Inspection 
Branch.  These  may  also  be  obtained  by  writing  dir- 
ectly to  the  Canadian  Standards  Association,  235 
Montreal  Road,  Ottawa  7,  Ontario.  The  cost  of  this 
publication  is  75C  per  copy. 

Although  it  is  not  anticipated  that  the  First 
Edition  of  the  Supplement  Will  be  adopted  for  some 
time  yet,  it  is  suggested  that  it  may  be  advantag- 
eous for  persons  in  the  electrical  industry  to  now 
obtain  copies  of  this  publication  in  order  to  fam- 
iliarize themselves  with  the  additions  to,  and/or 
am.endments  of,  the  rules  and  to  appraise  the  ef- 
fects these  may  have  on  their  activities.  Members 
of  the  industry  are  invited  to  forward  any  comments 
they  may  wish  to  offer  on  the  various  aspects  of 
the  document  in  order  that  these  may  be  taken  into 
consideration  at  the  time  the  recommendation  for 
adoption  of  the  Supplement  is  made. 

The  advisability  of  continuing  policies  pre- 
viously followed  in  permitting  installations  to  be 
undertaken  in  accordance  with  the  new  and/or  am- 
ended rules  prior  to  their  formal  adoption  date  is 
now  under  study,  and  will  be  further  reviewed  at 
the  forthcoming  Provincial  Code  Committee  Meeting. 
The  trade  and  industry  will  be  informed  through  the 
medium  of  the  April  issue  of  the  Bulletin  of  the 
decisions  made  in  this  regard. 

OUTDOOR  FLUORESCENT  LAMP  APPLICATIONS 


Because  of  the  introduction  of  the  mandatory 
requirements  for  thermal  protection  in  ballasts, 
the  question  has  been  raised  as  to  whether  such 
protective  equipment  is  essential  for  certain 
types  of  outdoor  fluorescent  lamp  installations. 

The  members  of  the  Canadian  Standards  Associa- 
tion Approvals  Council  (Electrical)  in  considering 
the  need  for  thermal  protection  in  all  outdoor 
fluorescent  lamp  installations  were  in  unanimous 
agreement  that  such  protection  should  be  required 
for  all  outdoor  applications  of  fluorescent  lamps 
except  where  the  equipment  (signs  and  lighting)  is 
free  hanging,  free  standing,  or  mounted  on,  or  in, 
masonry  construction  or  equivalent  non-combustible 
material.  In  line  with  this  thinking,  the  C.S.A. 
Testing  Laboratories,  on  January  15th,  1963,  issued 
Bulletin  No.  523D  to  announce  that  outdoor  non- 
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thermally  protected  fluorescent  fixtures  and  bal- 
lasts intended  for  the  special  applications  out- 
lined would  be  eligible  to  bear  the  C.S.A.  monogram. 

Although  there  are  presently  no  Canadian 
Electrical  Code,  Part  I,  rviles  to  specifically  gov- 
ern outdoor  fluorescent  lamp  installations,  it  has 
been  agreed  that  such  rules  are  desirable,  and  nec- 
essary, in  order  to  regulate  installations  made 
under  the  foregoing  conditions.  Accordingly,  the 
C.E,  Code,  Part  I,  Subcommittees  are  now  studying 
proposed  rule  amendments  for  presentation  to  the 
Part  I Committee  for  inclusion  in  the  appropriate 
Code  sections.  Until  such  rule  revisions  are  pro- 
cessed and  adopted,  outdoor  fluorescent  lamp  in- 
stallations utilizing  non-thermally  protected  bal- 
lasts will  be  permitted,  on  a special  acceptance 
basis,  if  they  fall  within  the  scope  of  the  above 
listed  exceptions,  and  all  other  applicable  re- 
quirements are  met. 

RULE  30-054  - INSTALLATION  OF  PRE-WIRED  SMALL- 
DIMENSION  RECESSED  LIGHTING  FIXTURES 


In  the  interests  of  uniformity',  and  to  over- 
come field  problems  being  experienced  with  small 
recessed  fixture  installations,  an  item  was  placed 
in  the  July  1963  Quarterly  Bulletin  to  outline  the 
minimum  acceptable  areas  and  dimensions  of  openings 
giving  access  to  the  outlet  box  referred  to  in  Rule 
30-054  (2)  (b)  (ii).  As  several  inquiries  have 
been  received  since  publication  of  this  article  as 
to  whether  these  areas  and  df-mensions  are  specifi- 
cally applicable  to  small  pre -wired  fixtures  that 
are  provided  with  a tap  junction  box  as  an  integral 
part  of  the  unit,  clarification  of  the  approach 
used  in  inspecting  such  installations  seems  essen- 
tial. 


Pre -wired  recessed  fixtures  incorporating 
junction  boxes  for  tap  connections,  which  have  been 
tested  with  respect  to  temperature  rise,  etc.,  cert- 
ified by  the  Canadian  Standards  Association,  and  so 
designed  that  removal  or  adjustment  of  part  of  the 
fixture  will  provide  ready  access  to  connection 
boxes  that  are  integral~with  the  assembly,  are  not 
considered  to  present  the  same  problems  as  fixtures 
which  are  connected  to  the  branch  circuit  conductors 
through  the  use  of  a remotely  and  separately  located 
junction  box  as  required"  Ky  Rule  3t)-054.  TKereTori7 
pre-wired  recessed  fixtures  that  are  so  designed 
that  the  incorporated  junction  box  may  be  considered, 
during  installation  and  afterwards,  to  be  readily 
accessible  because  of  its  immediate  proximity  to  the 
fixture  opening,  may  be  exempted  from  the  rule  inter- 
pretations placed  in  the  previous  Quarterly  Bulletin, 

RULE  28-028  - SIZE  OF  FUSE  HOLDERS  FOR  TIME-DELAY 
FUSES 


The  exception  under  Rule  28-028  will  permit  the 
use  of  fuse  holders  of  a smaller  size  than  specified 
in  Table  26  for  standard  fuses  where  fuses  having 
time  delay  appropriate  for  the  starting  character- 
istics of  a motor  are  used.  Although  application  of 
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this  portion  of  the  rule  may,  under  certain  condi- 
tions, permit  the  use  of  a smaller  size  of  motor 
switch  than  would  be  required  for  standard  fuses, 
it  should  be  kept  in  mind  that  the  minimum  accept- 
able size  of  holder  to  accommodate  time-delay  fuses 
used  as  overcurrent  protection  for  a motor  branch 
circuit,  or  feeder,  must,  in  general,  be  based  on 
ISOfo  of  the  motor  full-load  running  current,  and 
the  usual  overload  protection  must  be  provided  in 
addition  to  the  fuses. 

It  is  also  pointed  out  that  time-delay  fuses 
sized  on  the  basis  of  the  minimum  acceptable  rating 
may  not  provide  for  adequate  starting  currents  in 
cases  where  motors  having  severe  starting  condi- 
tions are  concerned.  Therefore,  the  fuse  manufac- 
turer's data  and  recommendations  with  respect  to 
sizing  of  time -delay  fuses  for  motors  with  varying 
starting  characteristics  and  duty, should,  in  all 
cases,  be  consulted  in  selecting  fuses  of  this 
type. 


Reduction  of  a fuse  holder  size  to  a rating  of 
less  than  150%  of  the  motor  running  current  will 
only  be  considered  on  a special  permission  basis 
where  the  conditions  and  maintenance  procedures 
justify  some  deviation  from  standard  policies. 

1964  PROVINCIAL  CODE  C031MTTTEE  MEETING  (ALBERTA) 


The  next  meeting  of  the  Provincial  Code  Com- 
mittee has  been  tentatively  scheduled  for  February 
19th,  20th,  and  21st,  1964. 

During  the  conference,  consideration  will  be 
given  to  the  application,  clarification,  adoption 
and  uniform  interpretation  of  the  various  Canadian 
Electrical  Code  rules.  Also,  the  group  will  study 
the  development  of  new  rules  and  revisions  to  ex- 
isting requirements  that  are  considered  to  be  desir 
able  due  to  the  development  of  new  materials  and 
installation  methods  for  the  utilization  of  electri 
cal  energy. 

Persons  associated  with  the  electrical  indus- 
try in  Alberta  are  reminded  that  any  items  they 
wish  considered  for  inclusion  on  this  meeting's 
agenda  should  be  submitted  to  the  Provincial 
Electrical  Protection  Branch,  or  the  committee  mem- 
ber representing  their  section  of  the  industry,  not 
later  than  February  5th,  so  that  they  may  be  assem- 
bled and  the  agenda  distributed  in  advance  of  the 
meeting. 

This  procedure  is  considered  desirable  in 
order  that  the  committee  members  may  have  the  op- 
portunity to  study  the  agenda  items  and  to  discuss 
them  with  the  groups  they  represent  prior  to  the 
meeting. 

The  meeting  will  be  held  in  the  Auditorium  of 
the  City  of  Calgary  Electric  Light  Department  at 
2808  Macleod  Trail,  Calgary. 


